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Voltage-unbalance is one of the power quality deficiencies that degrades 
electrical power systems performance. In this work, voltage unbalance 
problem is tackled through two stages; evaluation using a novel performance 
index and mitigation using a thyristor-controlled reactor (TCR) compensator 
with artificial intelligent (AI) based models. Unlike standard performance 
indices that rely on voltages' root mean square (RMS) values, the proposed 
index depends on the space vector (SV) signal amplitude for voltage 
unbalance evaluation. This signal depends on the instantaneous values of the 
three-phase voltages and has twice the system frequency. Therefore, the 
proposed index entitled as space vector unbalance factor (SVUF) reflects the 
amount of voltage unbalance and reduces the time necessary for evaluation 
by half. Subsequently, advanced models based on several algorithms are 
proposed to generate the required firing angles for TCR compensator to 
restore voltage balance, including radial basis functions networks (RBFNs), 


hybrid-RBFNs (H-RBFNs), polynomials (PNs), and simplified neural 
networks (NNs). Models' structure, prediction capability, and response time 
are analyzed. Results show that the time required for voltage unbalance 
mitigation is reduced. Moreover, the models used to generate the firing 
angles are simplified significantly while maintaining high accuracy. 
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1. INTRODUCTION 

Generation, transmission, and utilization of electrical power are critical issues prone to several 
power quality defects. Voltage unbalance is one of these problems which deteriorates various sectors 
performance [1]. The three-phase power system is considered balanced if the three-phase voltages and 
currents are symmetrical with a phase shift of 120° [2]. 

The prime factor that leads to voltage unbalance is distributing the single-phase loads irregularly 
over the three-phase system. Moreover, unbalance could result from the asymmetry in transmission lines' 
impedances and transformer windings [3]. Voltage unbalance has severe effects on different devices, such as 
alternating current (AC) to direct current (DC) converters, adjustable speed drives, and induction motors 
[4]-[7]. Based on the degree of voltage unbalance, a derating factor must be used in determining the motor 
size; for instance, 12% larger motor is demanded in case of a 3% voltage unbalance [8]. Therefore, 
quantifying voltage unbalance is essential for evaluating system performance and employing a suitable 
control. To fulfill this requirement, the engineering community defined several indices to evaluate voltage 
unbalance. 
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The true representation of voltage unbalance, was stated by international electrotechnical 
commission (IEC) as the ratio between the negative and positive sequence voltages. This index is known as 
voltage unbalance factor (VUF) [9]. Institute of Electrical and Electronics Engineers (IEEE) approved three 
definitions for voltage unbalance. According to IEEE Std.936-1987, voltage unbalance is expressed as "the 
difference between the highest and the lowest RMS phase voltage, referred to the average of the three 
voltages" [10]. Additionally, IEEE Std.112-1991, introduced phase voltage unbalance rate (PVUR), which is 
defined as the maximum deviation from the average of phase voltages divided by this average [11]. Finally, 
TEEE Std. 1159 confirmed the definition presented by IEC in addition to IEEE Std.112 [12]. Furthermore, 
national electrical manufacturers association (NEMA) authenticated another standard index known as line 
voltage unbalance ratio (LVUR). It is defined as the ratio between the maximum deviation from the average 
of line voltages and this average [13]. All these indices rely on the calculation of the RMS voltages therefore 
20 ms is required at least to calculate them. 

Moreover, several publications introduced other factors to evaluate or assess the effect of voltage 
unbalance on the system. Three indices, namely, maximum current deviation (MCD), combined current 
deviation (CMCD), and effective current deviation (ECD), were proposed in [14]. Henriques and Cormanein 
[15], voltage unbalance was evaluated in the time domain, and voltage unbalance level (VUL) performance 
index was proposed. This index requires many steps for calculation based on the second-order voltage tensor 
theory. 

The subsequent step when unbalance exceeds the allowable limit which is 3% according to 
American National Standards Institute (ANSI) standard is voltage unbalance mitigation [16]. Many 
techniques were proposed in the literature for this purpose, in [17] dynamic reconfiguration was used to 
balance the distribution system by changing the distribution network structure. Other techniques that employ 
dynamic voltage restorer or a unified power conditioner to restore voltage were proposed in [18] and [19]. 
Another efficient technique is the use of flexible AC transmission system (FACTS) devices. These devices 
include static VAR compensators (SVC) and static synchronous compensators (STATCOM), which are 
widely used in voltage balancing [20]-[22]. Esfahani and Vahidi in [23], a combination of thyristor- 
controlled reactor (TCR) and STATCOM was implemented to restore voltage balancing and reduce current 
harmonics. 

Several control algorithms were proposed for SVC control [24]. The use of a PI controller with SVC 
for voltage regulation purposes was discussed in [25]. Hybrid algorithms that use neural networks (NNs) 
during online mode for voltage balancing and other algorithms to generate the firing angles of the TCR 
compensator during offline mode were considered [26]—[28]. A fuzzy ranking system was used in [26] to 
provide the optimum set of firing angles based on harmonic minimization. Rubaiey and Rubayi [27], a 
gravitational search algorithm (GSA) replaced the fuzzy logic with the same objectives of reducing 
harmonics and restoring voltage balancing. Particle swarm optimization (PSO) algorithm with the objective 
function of reducing VUF was proposed in [28]. Ragab et al. [29], proposed the NN was implemented during 
the online mode to retrieve voltage balance, while data required for NN training were obtained using an 
experimentally. 

Radial basis functions networks (RBFNs) were used in [30] and [31] for SVC control, to improve 
the stability of the electrical power system. Guo et al. [32], used a model based on RBFNNs and principal 
component analysis (PCA) method was proposed to monitor the power system. The RRBFNN was suggested 
to deal with nonlinear data then the PCA was employed to perform islanding detection. Both NNs and 
RBENs are good candidates to model complex engineering systems. The contribution to knowledge in this 
work can be summarized is being as: 

— Proposing a novel index for voltage-unbalance evaluation. This index depends on the SV magnitude to 
calculate voltage unbalance percentage, reducing the time required for unbalance evaluation by half. 

— Proposing several models to generate the required firing angles of TCR to restore voltage balance. 
Models based on RBFNs, hybrid-RBFNs (H-RBEFNs), polynomials (PNs), and NN are proposed with the 
unbalanced three load voltages only as input data and the three firing angles of TCR as output data. The 
suggested NN has a very simple structure consisting of one hidden layer with ten neurons. Also, the 
proposed RBFNs and NN shows a high performance in prediction capabilities. 

— Enhancing the response time required for voltage unbalance mitigation through improvements in both the 
evaluation and control process. 

The paper is organized is being as: the unbalanced three phase power system is introduced in section 2. 
Then space vector unbalance factor (SVUF) is proposed for voltage unbalance evaluation in section 3. After that 
section 4 discusses the suggested models for voltage unbalance control. In section 5 the contribution to 
knowledge in this work is elaborated. Finally, the conclusion is given in section 6. 
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2. UNBALANCED THREE PHASE POWER SYSTEM 

Three-phase power systems operate efficiently under balanced conditions. However, voltage- 
unbalance arises in several situations and degrades system performance. In this work, Aqaba Qatrana South 
Amman (AQSA) electrical power system is modeled and simulated in MATLAB/Simulink, as shown in 
Figure 1. The system's total length is 328 km, starting at Aqaba station, which operates at 14 kV. This voltage 
is stepped up to 400 kV and connected to the power system line. Two substations split the line; Qatrana 
substation (bus 2) at 245 km and Amman South substation (bus 3) at 328 km, respectively. In order to 
represent these transmission lines, three pi-sections are used; each consists of two shunt capacitors and series 
inductor and resistor [29]. 

At South Amman substation, the voltage is stepped down to 132, 33, 11, and 0.38 kV at which the 
three-phase loads are connected. As the power consumption by the loads is asymmetrical over the three 
phases, voltage unbalance arises. In this case, the currents drawn by the loads are not identical, producing 
asymmetrical voltage drop across the transmission line and consequentially unbalanced load voltages. In 
order to restore voltage balance, a TCR compensator is installed at bus 3. This type of reactive power 
compensator provides a good capability for individual phase control and fast response. By varying the firing 
angles between 90° and 180°, the absorbed reactive power varies accordingly. In the case of voltage 
unbalance, the provided lagging VARs differ according to each phase requirements, and thus the control 
action can be carried out by firing each pair of thyristors with proper firing angles [20]. The required firing 
angles are determined using several algorithms, as discussed in section 4. 
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Figure 1. AQSA power system Simulink model 


3. VOLTAGE UNBALANCE EVALUATION USING SVUF 
In this section standard indices used for voltage unbalance evaluation are introduced, and the new 
SVUF index is proposed and compared to these indices. 


3.1. Voltage unbalance factor 

The symmetrical components theory can be used to analyze and study the power system under 
unbalanced conditions [33]. In the context of this work, it is used as a part of VUF calculation. According to 
this theory, the three-phase unbalanced components can be expressed as a set of balanced (i.e., symmetrical) 
ones. These symmetrical components are known as positive, negative, and zero sequence components. Both 
the positive and negative sequence voltages have equal magnitudes and a phase shift of 120°. But the 
negative sequence voltages rotate in the opposite direction of positive sequence voltages. The zero-sequence 
voltages have equal magnitudes, zero phase shift, and fixed (i.e., do not rotate). The symmetrical components 
can be represented in terms of the three-phase voltages is being as [33]: 


Vo = % (Va + Vp + Vo) (1) 
V, = 1 (V, + aV, + a?V,) (2) 
Vz = %(V, + a°V, + aV,) (3) 


Where: 
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Vı , Vp and V,: Three-phase unbalanced voltages. 
Vo ,V, and V, : Zero, positive, and negative sequence components of the three-phase voltages, respectively. 
The VUF, which represents the true definition, can be calculated according to the following equation: 


VUF = <2 x100 % (4) 
a 


3.2. Phase voltage unbalance rate 

In terms of IEEE standards, the PVURs are given by (5) and (6) with subscripts referring to the 
standard’s name [11], [12]. The PVUR is defined by IEEE- Std.112 as the maximum deviation from the 
average of three-phase voltages to the average of three-phase voltages. The IEEE- Std.936 defined PVUR as 
the difference between the highest and lowest voltage to the average of three-phase voltages. Its calculation 
depends on the RMS of the voltages, which requires 20 ms of time. 


Maximum deviation from average 


PVUR,1 


x100 % (5) 


Average of three phase voltages 


A highest and lowest rms voltage 


PVURo36 x100 % (6) 


Average of three voltages 
3.3. Line voltage unbalance ratio 

In (7) represents the NEMA definition for LVUR [13]. Its calculation depends on the RMS of the 
voltages, which requires 20 ms of time. 


Maximum deviation from average 


LVUR = 


x100 % (7) 


Average of three line voltages 


3.4. Space vector unbalance factor 

In this work, an advanced index to evaluate voltage unbalance based on SV signal is proposed. 
Space vector unbalance factor (SVUF) is the suggested name for the proposed index. In general, the SV is a 
complex variable used to represent the total effect of system voltages, as shown by (8) [29]. When the 
three-phase power system is balanced, the SV magnitude is constant and can be considered as a DC signal. 
Whereas, when the three-phase voltages are unbalanced, the instantaneous values of the SV magnitude vary 
continuously producing a sinusoidal signal. The frequency of this signal is twice the system voltages 
frequency [29]. 


Dy = Va +j (Vp — Ve) (8) 


The magnitude of SV |v,| can be calculated by (9) [34]. 


_ 1 
lel = va? +5 Wy = va)? (9) 
Where: 


Va, Vb, and ve: The three-phase load voltages. 

The proposed SVUF is defined as the ratio between the amplitudes of the SV AC signal and the SV 
DC signal. Or "The ratio between the SV amplitudes under unbalanced and balanced conditions". 
Accordingly, SVUF can be calculated from (10). 


%SVUF = “sao * 100 % (10) 
S(DC) 


Where: 
Vs(pc): SV amplitude under balanced condition. 
Vscacy: SV amplitude under unbalanced condition. 

Figure 2 shows the three-phase voltages and SV amplitude for the considered AQSA system under 
balanced conditions. The SV amplitude equals 362 V, which is taken as a reference DC value. Figure 3 
shows the SV signal in case of voltage unbalance in which the VUF is 4.11%. In this case, the amplitude of 
SV is 14.65 V, and according to (10), the SVUF can be calculated is being as: 


14.65 
362 


* 100% = 4.04%. 


%SVUF = S40 g 100 %= 
S(DC) 
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Figure 4 shows another case in which the VUF equals 1.567%, and the SV amplitude is 5.634 V, 
and accordingly, the SVUF is 1.556 %. The absolute error between the obtained SVUF and the real VUF is 
only 0.07 % and 0.011%, respectively. This confirms the accuracy of the proposed SVUF for the calculation 
of the unbalance factor in unbalanced three phase power system. 
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Figure 3. SV signal and unbalanced three-phase voltages with %SVUF of 4.04% and %VUF of 4.11% 
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Figure 4. SV signal with %SVUF of 1.567% and %VUF of 1.566% 


Table 1 shows the SVUF and the other standard indices (LVUF, PVUFi12, and PVUFo36) in 
comparison with the true value which is represented by VUF. It can be seen that the values obtained using the 
proposed SVUF provide adequate representation for voltage unbalance percentage in the system. 
Furthermore, the average of absolute errors for each performance index is calculated, assuming that the 
%NVUF represents the true value. It is noticeable that the proposed performance index SVUF provides the 
least average absolute error, which equals to 0.48 %. 

The proposed index provides good accuracy while surpasses other indices in several aspects. It 
eliminates the need to express the system voltages in terms of the symmetrical components required for the 
VUF calculation. Moreover, the SV signal has twice the frequency of the system voltages signal, hence this 
signal's amplitude can be provided within half of the system cycle (i.e., 10 ms for 50 Hz signal frequency). 
While the RMS values of system voltages require 20 ms at least when unbalance conditions are presented in 
system. Consequently, the proposed index outdoes the traditional performance indices by reducing the time 
necessary to detect and evaluate voltage unbalance to half. 
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Table 1. Proposed SVUF and standard indices in comparison with VUF 


SV amplitude %VUF %SVUF %LVUF  %PVUR 2 %PVURə36 
11.9 3.4 3.29 3.31 3.24 5.59 
8.405 2.38 2.32 2.36 2.35 3.88 
21.76 6.35 6.01 5.59 5.47 10.9 
20.05 5.83 5.54 5.19 5.85 9.93 
23.71 6.93 6.55 6.18 6.29 11.9 
39.17 12 10.8 10.5 10.5 20.6 
34.82 10.5 9.62 9.48 9.13 18.1 
32.19 9.68 8.89 8.73 8.44 16.6 
30.25 9.01 8.36 7.8 8.05 15.6 
28.3 8:37 7.82 7.45 7.68 14.4 
14.62 4.11 4.04 4.06 4.16 6.48 

Average absolute error 0% 0.48% 0.72% 0.69% 5.04% 


4. VOLTAGE UNBALANCE MITIGATION 

In this work, a TCR reactive power compensator at the load side is applied to restore the voltage 
balance for the 328 km AQSA power system. By determining the firing angles of the TCR, the amount of 
reactive power can be controlled and balanced conditions can be achieved. In this section four intelligent 
models: RBFNs, H-RBFNs, PNs, and NNs are proposed to generate the required TCR firing angles. Then the 
best models are validated through the employment on the AQSA power system considering the VUF as the 
criterion for assessment. Finally, the two steps of voltage unbalance evaluation and mitigation using SVUF 
and intelligent models are performed, respectively. 

All the proposed intelligent models utilize the three phase voltages as inputs to predict the required 
three firing angles for voltage balancing. A MATLAB/Simulink model of AQSA is used to generate the data 
set that are used to train the proposed intelligent models empirically. This procedure was followed to reduce 
the number of parameters used as the input data. Because equations required to calculate the firing angles 
depend on at least six parameters, including three load voltages, currents, real powers, and reactive powers, 
therefore using these equations to generate the data during offline mode then excluding part of them as 
in [27] and [28] affects the quality of data. Consequentially, NN's with complex structures were necessary to 
perform the regression with results showing moderate performance during the testing phase. 230 samples of 
data set are generated to train intelligent models, 80% of these samples are used for regression, and 20% for 
validation (i.e., testing). Different models are compared according to several factors is being as: 

— The number of parameters constitutes the model. 

— The coefficient of determination (R*), which reflects the model's ability to produce the expected output, 
and the optimal value for this factor is 1. 

— The predicted error sum of squares R? (PRESS R°), which reflects the model capability in prediction, and 
the optimal value for this factor is 1. 

— The root mean square error (RMSE), which indicates the model's ability to chase the data points, and the 
optimal value for this factor is zero. 

— Predicted error sum of squares RMSS (PRESS RMSE), which helps in avoiding overfitting during model 
generation. As this factor decrease the model will have a better predectivity. Reducing the RMSE value 
does not guarantee that model will produce good results when new data are presented. Therefore, it is 
useful to consider minimizing both the RMSE and PRESS RMSE. 


4.1. Radial basis function networks 


Several types of RBFNs are considered to predict the firing angles. In general, the radial basis 
function can be represented by (11) [35]. 


2(x) = (lx — wll) (11) 
Where x represents the input vector and wis the center of the radial bases function. In terms of @, it is a 
univariate function that characterizes RBFNs' various functions, which are known as kernel functions. 


Each model obtained using RBFNs consists of linearly combined N of RBFs that have distinct 
centers. The output of the model built is given by (12). 


I(x) = Xj- Biz) (12) 


Where (x) is the approximated output of a target set and £}; is the weight of the j? RBF. 
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In this work the kernel functions considered are: multiquadrics (MQ), thin-plate spline (TPS), and 
logistic basis function (LBF). These kernel functions are given by (13)-(15) respectively. All these functions 
have a width parameter o related to the function spread around its center. 


(r) = (r/o)* log (r/o) (13) 
(r) = Tew") (14) 
plr) = vr? + o? (15) 


Table 2 shows that all Kernel functions resulted in an outstanding performance in terms of R°, 
which has a value of 1. Which proves the models ability to produce the expected output. Also, it can be seen 
that PRESS R? is very high, almost 1 for all models, which manifests high performance in terms of 
predictability. Moreover, the least RMSEs are provided by MQ, LBF, and LBF. Therefore, a combination of 
these functions is applied in the Simulink model to perform voltage unbalance mitigation. 


Table 2. RBFNs models results 
TCR firing angles Kernel Function Parameters R? PRESS R* RMSE PRESS RMSE 


al MQ 62 1 0.999 1.19 3.25 
TPS 63 1 0.999 1.38 3.75 
LBF 60 1 0.998 1.26 4.29 
a2 MQ 63 1 0.999 1.91 4.36 
TPS 63 1 0.996 1.92 7.39 
LBF 63 1 0.999 1.85 3.97 
a3 MQ 63 1 0.999 1.78 3.5 
TPS 63 1 0.999 1.57 3.49 
LBF 63 1 0.999 1.53 F. 


4.2. Hybrid radial basis function networks 

These functions are a combination of RBFNs and linear models. The H-RBFNs considered are 
hybrid-LBF (HLBF), hybrid-MQ (HMQ), and hybrid-liner RBF (HLRBF) with PNs. Table 3 shows that a 
high value of R? for the three firing angles of more than or equal to 0.99 is reached for all models. It shows 
the models ability to produce the expected output. Furthermore, PRESS R? is acceptable and shows good 
prediction capabilities. In terms of least RMSE, it is accomplished by the LBFP model; hence it is used in 
section 4.5 for voltage unbalance mitigation. 


Table 3. H-RBFNs models results 
TCR firing angles _ H-RBF Parameters R? PRESS R? RMSE PRESS RMSE 


al HLBF 67 0.997 0.929 1.00 4.6 
HMQ 67 0.997 0.941 1.00 4.06 

HLRBF 67 0.997 0.945 1.10 4.18 

a2 HLBF 67 0.99 0.971 1.59 3.54 
HMQ 67 0.99 0.977 1.65 4.98 

HLRBF 67 0.99 0.972 1.68 3.14 

a3 HLBF 67 0.994 0.971 1.37 3.18 
HMQ 67 0.993 0.97 1.44 3.76 

HLRBF 67 0.994 0.96 1.49 3.28 


4.3. Polynomials 

Linear regression provides simpler models compared to other regression types. Nevertheless, when 
dealing with PNs models, attention must be given to the number of terms. This number must be selected so 
that a compromisation between reducing the error and avoiding overfitting is achieved [35]. Regarding that, 
as the number of terms increases, the error decreases. To provide a better generalization (i.e., model 
predictability), stepwise regression is used to select model terms so that the PRESS RMSE is minimized. 

Several polynomial models are examined to predict the firing angles. A third, fourth, and fifth-order 
polynomials are investigated, as shown in Table 4. It can be noticed that as the order of the polynomial 
increases and consequentially, the number of terms increases, the RMSE decreased slightly. However, the 
PRESS RMSE increased numerously and PRESS R? decreased, reflecting a reduction in the prediction 
capability of the higher-order models and overfitting. As a result, the third-order polynomial will be 
considered for voltage unbalance control. 
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Table 4. Polynomials models results 
TCR firing angles_ Polynomial Order _ Parameters R? PRESS R? RMSE PRESS RMSE 


al 3" 15 0.964 0.931 4.32 4.51 
4h 35 0.966 0.215 3.5 15.27 
5h 38 0.968 -10.695 3.46 58.94 

a2 3" 14 0.939 0.926 5.3 5.61 
4h 35 0.972 0.623 3.86 10.81 
5h 38 0.973  -13.155 3.77 77.81 

a3 3" 14 0.96 0.951 3.9 4.16 
4th 23 0.96 -0.094 3.82 19.63 
5th 33 0.97 0.945 3.47 441 


4.4. Neural networks 

Many publications in the literature discussed the use of NN for firing angles generation. Typically, 
NN's use is widespread during online operation due to its fast response compared to other algorithms such as 
gravitational search, particle swarm, and genetic algorithm that are usually used to generate the firing angles 
during offline mode [28]. Two structures of NN are suggested. First, three NNs are used with the three load 
voltages as input and one of the firing angles as each network's output. Each NN consists of one hidden layer 
with ten neurons and an output layer with one neuron; the tansigmoid transfer function is considered in both 
layers. Table 5 shows the data related to NNs training. It can be seen that in all cases, R? is very high almost 
one, which means that the NNs have an excellent performance during the training phase. 

In terms of the second structure, one NN with the three load voltages as input and the three firing 
angles as output is suggested. The NN consists of one hidden layer with ten neurons, which reduces 
calculations significantly. Repeatedly, the tansigmoid transfer function is used for both the hidden and the 
output layers. Figure 5 shows the performance of the proposed NN during the training, validation, and testing 
phases. Outstanding performance is achieved where R? is more than 0.97 during all phases while attaining 
considerable simplification in the structure compared to other NNs applied for the same problem. 


Table 5. Results of NN models 
TCR firing angles Parameters R? RMSE 


al 51 0.97 3.27 
a2 51 0.95 5.16 
a3 51 0.979 3.01 


Training: R=0.98369 Validation: R=0.98883 
= = 


Output -= 0.96*Target + 4.5 
Output -= 0.96" Target + 4.2 


ai 
100 120 140 160 


100 120 140 
Target Target 
All: R=0.98278 


Output -= 0.95*Target + 6 


Output -= 0.96* Target + 4.8 


100 120 140 160 100 120 140 160 
Target Target 


Figure 5. NN performance 


4.5. Models validation 

The best models obtained in the previous sections are validated through 33 test cases. These cases 
are conducted on the AQSA power system model using MATLAB/Simulink. A third-order polynomial, 
RBEN, H-RBEN, and NN are used to generate the required TCR firing angles for voltage balancing. As 
mentioned earlier, the acceptable value of the VUF is less than 3%. According to this criterion, the proposed 
models are evaluated. Table 6 shows the unbalanced voltages and the VUF before and after correction using 
different models, for different load changes at AQSA. All models provide acceptable performance and 
achieve the goal of reducing VUF to less than 3% except for polynomials, which screwed in some cases and 
generally maintained higher VUF. Also, it can be seen that the RBFN provides the best performance, with an 
average VUF of 0.76%. This result can be elucidated by RBFN models’ high performance in terms of PRESS 
R? and R’, indicating these models’ abilities to predict and fit data. 
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Table 6. VUF using different models 


ISSN: 2088-8694 


Before voltage unbalance mitigation 


After voltage unbalance mitigation 


VUF Vab Vee Vea VUF (Polynomial) VUF (H-RBFN) VUF(RBFN) VUF (NN) 
3.68 225 234 219 0.36 0.33 0.49 1.01 
6.68 220 230 205 1.93 0.67 0.67 0.9 
4 225 233 217 0.15 0.26 0.33 1.07 
6.48 218 235 210 2.8 0.6 0.6 0.85 
4.5 219 230 213 0.88 0.4 0.36 0.4 
6.3 219 232 208 0.96 0.49 0.47 0.521 
6 216 232 210 1.23 0.96 0.7 0.37 
5.9 214 232 215 0.48 0.75 0.72 0.22 
5 222 236 217 0.4 0.66 0.64 0.78 
TD 221 229 202 2.97 1:93 1.65 1.68 
3.37 227 238 224 0.55 0.45 0.34 1.5 
3T 228 225 240 1.94 1.71 0.86 1.26 
3.9 229 222 238 1.65 0.774 1.06 1.07 
4.84 223 220 238 1.32 0.58 1.31 1.17 
6 223 218 240 2.8 0.36 0.92 0.85 
5.37 223 220 239 2 0.26 0.4 0.37 
7.11 222 216 242 3.89 1.06 1.71 1.65 
3.48 218 222 232 0.84 0.74 0.52 1.02 
3.47 216 214 226 1.16 0.25 0.17 0.7 
4.77 205 213 223 0.64 0.32 0.35 0.27 
6.3 200 210 223 1.4 1.5 1.13 1.1 
5.25 202 213 221 0.77 0.58 0.59 0.23 
4.29 202 209 218 0.95 0.55 0.47 0.8 
3.28 231 231 220 1.09 0.34 0.37 1.4 
5.05 226 232 214 0.21 0.14 0.23 0.29 
4.1 229 231 217 0.69 0.56 0.72 0.91 
6 227 230 208 1.66 1.39 1.06 0.08 
TAT 224 231 205 2.82 2.41 1.29 1.12 
6.9 224 227 203 1.9 1.845 0.91 0.67 
4.79 219 221 205 0.35 0.64 0.67 0.55 
5.94 221 221 204 1.11 0.85 0.71 0.49 
7.9 226 224 199 2.43 3.5 2.04 1.27 
3.99 229 227 215 0.6 0.3 0.52 0.19 
Average VUF 5.24 1.36 0.85 0.76 0.81 


Figure 6 shows the response of the three-load voltages at AQSA with 5.2% voltage unbalance 
occurs at 0.08 sec. Then at 0.13 sec, RBFN is used to generate the required TCR firing angles (99°, 96°, 
130°) and the voltage unbalance is mitigated to 0.75%. To further demonstrate the advantage of the proposed 
SVUF, two cases for voltage unbalance evaluation and mitigation are considered. In both cases, after voltage 
unbalance detection, 10 msec are considered to calculate the three load voltages used as NN inputs. Next, the 
three firing angles are produced by the NN instantly. Figure 7 shows that the total time required to retrieve 
the balance condition is 30 msec when VUF is used to evaluate the voltage unbalance. On the other hand, 
Figure 8 shows that this time is reduced to 20 msec when SVUF is utilized for the evaluation. Therefore, the 
actual time required for voltage unbalance detection and evaluation when the VUF used is 20 msec, while in 
the case of SVUF, the time is reduced to 10 msec. It is worth to mention that in both cases voltage unbalance 
occurs at 0.1s. Figure 9 shows one of the line voltages Vca in both cases. The control action takes place at 
0.12 s in the case of SVUF, while in the case of VUF, it takes place at 0.13 s. 
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Figure 6 Three phase load voltages with RBFNs to retrieve voltage balancing 
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Figure 7. Voltage unbalance mitigation and evaluation using NNs and VUF 
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Figure 8. Voltage unbalance mitigation and evaluation using NNs and SVUF 
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Figure 9. Vca line voltage with NNC considering unbalance evaluation using VUF and SVUF 


5. CONTRIBUTION TO KNOWLEDGE 

Voltage unbalance evaluation was enhanced by using the SVUF, which reduces the time required 
for evaluation by half while maintaining good accuracy and eliminating the need to use symmetrical 
component. Table 7 shows a comparison between the proposed RBFNs and NN models and other NNs used 
in the literature. The total number of parameters includes the parameters of models such as the number of 
weights and biases used in the NNs. The response time is the time necessary to restore voltage balance 
excluding the time for voltage unbalance evaluation. In [26] and [27], three NNs with more than one hidden 
layer were used, resulting in large numbers of parameters causing an excessive increase in computations. A 
simpler model of one NN with three inputs was proposed in [28]. However, this reduction in the number of 
networks and inputs was compensated by gradually increasing the number of neurons leading again to large 
numbers of parameters and excessive computations. Also, the NN suggested has moderate performance 
during testing, with R? equals 0.814. The NN suggested in [29] has the simplest structure with 163 
parameters only and a response time of 40 msec. 

In this work, a much simpler NN structure is considered, with a total number of parameters equal to 
73. Simultaneously, high performance is maintained during the testing phase, with R? equals 0.976. In terms 
of RBFNs, although it has a slightly higher number of parameters, it still provides the best performance in 
terms of R? and PRESS R? leading to higher ability in generating the firing angles with the least VUF. Also, 
the total response time of TCR is reduced to 30 msec. 
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Table 7. Comparison between different models 


Comparison criterion Fuzzy-NN GSA-NN NN PSO-NN Proposed Proposed 
ž [26] [27] [29] [28] NN RBFN 
NN Inputs 3 Reactive 3 Reactive 4 Load 3 Load 3 Load 3 Load 
power power voltages +SV voltages voltages voltages 
Number of networks 3 3 1 1 1 3 
Number of neurons in each 23,13,9 30,30 20 150 10 - 
hidden layer 
Total Number of Parameters 1620 3243 163 1053 73 188 
R? for Training - - 0.982 0.985 0.984 1 
Response time (msec) 125 - 40 57 30 30 
VUF (%) range - - 3.57-7.54 3.44-6.93 3.28-7.9 3.28-7.9 


6. CONCLUSION 

The voltage unbalance problem in the electrical power system was tackled through two stages; 
evaluation and mitigation of voltage unbalance. SVUF was proposed to evaluate system performance, 
reducing the time required for evaluation from 20 msec to 10 msec. Subsequently, voltage-unbalance 
mitigation was performed through the use of the TCR reactive power compensator. RBFNs and NN were 
considered to generate the required firing angles of TCR with the three load voltages as the input. The RBFN 
outperforms existing models with the high ability to fit the data with R? of 1 while avoiding overfitting with 
PRESS R? of 0.999. In terms of the proposed NN, it has the simplest structure of one network with one 
hidden layer of ten neurons. Both RBFN and NN show high performance in mitigating voltage unbalance in 
the range of 3.4 to 7.9%. Furthermore, a reduction in response time of TCR from 40 msec to 30 msec was 
achieved. The proposed work was verified through a simulation model for the AQSA power system. 
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